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ABSTRACT 


The design of earthing system for 230 kV substation is challenging task. A 
safety is one major concern in the operation and design of an electrical power 
system. This Paper is to provide information pertinent to safe earthing 
practice in substation design and to establish the safe limits of potential 
difference under normal and fault conditions. Substation earthing system 
design requires calculating of parameter such as touch and step voltage 
criteria for safety, grid resistance, maximum grid current, earth resistance, 
minimum conductor size and electrode size, maximum fault current level and 
soil resistivity. Soil resistivity is a major factor influencing substation grid 
design. In this paper, design of earthing grid for Square configuration to obtain 
the minimum cost and safety. Finally, simulation results were carried out using 
ETAP 12.6 software. This paper mentions the method proposed for substation 
earthing is in accordance with IEEE Std 80-2000. 


KEYWORDS: Substation design\, touch and step voltage, soil resistivity, ETAP 12.6 
software, grounding grid 

I. INTRODUCTION 

Substation earthing system is very important for electric power system not only 
to provide the protection of people working in the vicinity of earthed facilities 
and equipment against danger of electric shock but also to maintain proper 
function of electrical system. 
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The main function of earthing system in substation include; 
the first one is the ability carrying the electric currents into 
earth under normal and fault conditions without exceeding 
operating and exposed to the danger of electric shock [2]. 
The second is how this grounding system ensures that the 
person in the vicinity of grounded facilities is not exposed to 
the danger of electric shock. Designing grounding systems, 
building them and putting them in operation is a difficult 
task. The soil where the grounding system will be installed 
will generally be non-uniform. The flow of the earth system, 
cause voltage gradients ground level which cases different 
parts of the earth and the reference (ground round). (The 
ground potential rise (GPR) can be minimized by providing 
low resistance path to ground.) Due to the different in soil 
characteristics at each substation, ground grid design must 
carefully be done to gain acceptable safety as well as optimal 
investment. In this paper, ground grid design without rods 
and with rods was carried out [3]. The vertical rods 
considered but authorities only as total length conductor's 
earth system optimization point are variable. 

A vertical rod is more effective electrode than a horizontal 
rod. Because, vertical ground rods discharge the grid current 
in the soil at sufficient depth. That, the ground potential rise 
(GPR) can be minimized by providing low resistance path to 
ground. Therefore, by using proper conductor and electrode 
size, earthing system may be able to overcome lightening 
effects. The grounding system of the substation should 


ensure the safe and reliable operation of power systems and 
guarantee a human being safety in the situation of grounding 
fault in the power system [2]. Study of unequally spaced 
grounding grids and optimum grounding grid design by 
using an evolutionary algorithm is considered. From the 
past, ground grid design without rods and with rods was 
carried out. 

Multiple driven electrodes are, everything being equal, more 
effective than equivalent ground grids made of horizontal 
conductors. This is true even when soil is uniform. However, 
when lower layer resistivity is high, the horizontal 
conductors are more effective because they reduce 
significantly the touch voltages Optimization design of 
substation grounding grid based on genetic algorithm is 
discussed [4]. 

II. DESIGN OBJECTIVES 

According to IEEE Std 80-2000 there are two main design 
goals to be achieved by any substation grounding system 
under normal as well as fault conditions. These goals are: 

> To provide means to dissipate electric currents into the 
earth without exceeding any operating and equipment 
limits. 

> To assure that a person in the vicinity of grounded 
facilities is not exposed to the danger of critical electric 
shock. 
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III. DESIGN METHODOLOGY 

The design procedure block diagram in Figure 1 is the sort 
earthing studies of power networks and the algorithm can be 
expressed as follows: 



Figurel. Block Diagram for Earthing Network Design 


^ step,70 ~ (1000 + 6C S P S ) x 


0.157 


(4) 


E touch, 50 = (1000 +1.5 C s p s ) x 


0.116 


(5) 


^touch.70 = (1000 + 1.5 C p ) X 


0.157 


( 6 ) 


> Step 5: Preliminary design parameters like distance 
between equally spaced conductors, grid burial depth, 
total length of horizontal conductors and number of 
parallel conductors in one direction are determined. 

> Step 6: The grid resistance is determined by equation 7. 


R g = p 


i i 

i — (i+ 
L t V 20A 



( 7 ) 


> Step 7: Calculation of grid current 
The maximum grid current is determined by combining 
decrement factor and symmetrical grid current is given by 
equation 8 and 9. 


: 3I 0 S f 


( 8 ) 


I G =D f S f (3 I 0 ) 


(9) 


IV. STEPS OF DESIGN 

> Step 1: Start 

> Step 2: Substation Data 

Data will be collected and important data from 
substation. 

> Step 3: Calculation of conductor size 

Cross section used for wireless networks based on land- 
related equations, it is calculated and determined flow error 
(3Io) the maximum amount must be injected into the 
network during the probable future developments and 
continuing up to times short circuit current (tf), which 
includes the protection of backup is to be determined 
equations 1 and 2. 


> Step 8: Calculation of the product of maximum grid 
current and grid resistance 
If it is less than the touch voltage, 


I G Rg < ^touch 


( 10 ) 


> Step 9: The mesh voltage and step voltage are 
determined by equation 11 and 12. 


E m = 


PlGK m K ; 


( 11 ) 


E s = 


P K S K ; I G 


( 12 ) 


3I 0 = 


3R f + (Rj + R 2 + R 0 ) + jCXj + X 2 + X 0 ) 


( 1 ) 


A „ = 
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( 2 ) 
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> Step 10: If the calculated mesh voltage is less than the 
touch voltage then proceeds for step 9, otherwise 
modify the design. 

> Step 11: If the calculated step voltage is less than the 
step voltage then proceeds for detailed design, 
otherwise modify the design. 

> Step 12: After calculating and determined all required 
grid parameters detailed design is prepared. 


> Step 4: Calculation of Tolerable step voltage and touch 
voltage are based on (3 _ 6). 


E 


step, 50 


(1000+6 C s p s ) x 


0.116 



(3) 


V. SIMULATION AND TESTING RESULTS 

The design of a substation grounding system is very complex 
due to the number of involved phenomena. One of them 
comes from the fact that lightning influences the local 
resistivity of the soil given, when lightning occurs, non-linear 
phenomena appear in the soil. 
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Figure2. Square Grounding Grid without Rods 


IEEE Group Editor X 


Conductors j Rods J 



Help | | OK || Cancel | 



Figure3. Touch and step Voltage Value in ETAP 
Simulation 


Figure5. Screenshot of ETAP Software 


FFF Group Editor 

Conductors Rods | 


Rods 


Material Constants 

Conductivity 
| 100.0 

Alpha Factor 
| 0.00393 

Ko Factor 

# of Rods |44 

Diameter |0.75 inch 

Length |30 Ft 

1 234 

Fusing Temperature 

Arrangement | Rods along Grid Perimeter 


| 1083 



Resistivity <® 20 C 

Type |Copper. annealed soft-drawn 


1 172 



Thermal Capacity 

Cost |100 S/Rod 


|_ 3.42 _] 


|__OK_j| Cancel | 


Figure6. Screenshot of ETAP Software 


Nevertheless, this is not the only difference regarding the 
low frequency case. Indeed, the high frequency response of 
both grounding grids and human body are not the same for 
fast transients and power frequency. In this section 
simulations are carried out in order to verify the results 
obtained through manual calculations. A software known as 
ETAP PowerStation is used for the simulations. The 
objectives of the program are: 

> To provide a low cost computer program running on a 
personal computer. 

> To provide an easy to use, but technically acceptable 
solution to the complex problem of grounding grid 
design. 

> To design a safe, technically acceptable and 
economically viable grounding grid. 



Figure4. Square Grounding Grid with Rods 


GRD Analysis Alert View fbr GRD1 X 

Summary and Alert j 
Result Summary 

Calculated Tolerable 

Volts Volts 

Touch 1 461.6 1 570.2 

Step [”~360’2 | 2314.5 

GPR | 45923 Volts Rg | 0 543 Ohm 


Alarm & Warnings 


Close j Help 


Figure7. Touch and Step Voltage Value in ETAP 
Simulation 

Table IDesign Parameters 


Parameter 

Without 

Rods 

With 

Rods 

Grid length 

Lx 

200ft 

200ft 

Ly 

200ft 

200ft 

Number of 

X-direction 

11 

11 

conductor 

Y-direction 

11 

11 

Number of Rod 

- 

44 

Length of Rod 

- 

30ft 

Conductor depth 

2ft 

2ft 

Step Voltage 

551.6 

461.6 

Touch Voltage 

923.9 

360.2 

GPR 

5365.5 

4502.8 

Ground Resistance Rg 

0.634 

0.543 
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VI. CONCLUSIONS 

In this grounding system for high voltage substation has 
been designed and the results are obtained by ETAP 
software. Construction of earthing grid is expressed in here. 
The step and touch voltages are dangerous for human body. 
Human body may get electric shocks from step and touch 
voltages. The final design shows that the resultant touch and 
steps voltages are within tolerable regions and no more 
enhancements are necessary. Other design modifications are 
useful in obtaining specific results. Rods are only effective in 
two layer soils. Reducing the mesh size is an admirable touch 
voltage reduction factor and when accompanied by a 
reduction in the overall ground resistant assist in reducing 
the step voltage. 
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